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E.O. 1 1652: GDS 
TAGS: ASEC, ABLD 

SUBJ: ACR INSTALLATION - NOB WELLINGTON 

REF: (A) CANBERRA 4072, (B) STATE 130635, (C) CANBERRA TSR 
DATED II/I0/76, (D) FBO MEMO AND DRAWINGS, 4/22/77 (NOTAL) 

1. IN ORDER TO COMPLETE PARENT EROOM MODIEICATIONS THE EOLLOWING 
CHANGES ARE STILL REQUIRED. IT SHOULD BE NOTED THAT SINCE THE 
NOB WAS NOT UNDER USG CONTROL, ALL MODIEICATIONS LISTED HEREIN 
WERE INTENDED TO BE DONE BY CONTRACTOR UPON APPROVAL PROM A/FBO. 
THIS STILL HOLDS TRUE. 

A. FROST OR PAINT INSIDE SURPACE OP WINDOWS SO AS TO BE 
OPAQUE. 

B. INSTALL THREE SOLID METAL BARRIERS, HINGED AND PADLOCKABLE, 

TO COVER ENTIRE WINDOW OPENINGS. 

C. INSTALL POWER PINTS CONTROLLED BY LIGHT SWITCH. POWER 
POINTS TO BE MOUNTED TWELVE INCHES FROM CEILING. 

D. INSTALL DUEAL OUTLET UNSWITCHED AS SHOWN IN REP (C), ITEM NO. 

5 AND 14, AT NORMAL HEIGHT ABOVE FLOOR. 

E. DELETE SUSPENDED CEILING. CONSTRUCT CEILING OP DRYWALL 
CONEIDENTIAL 
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EOR MAXIMUM FLOOR TO CEILING HEIGHT. LEAVE DRYWALL UNPINISHED IP 
DESIRED. (NOTE: SUSPENDED CEILING NOW IN PLACE.) 

2. THE EOLLOWING MODIEICATIONS ARE NO LONGER A REQUIREMENT: 

-. INSTALL HINGED DOOR. 

B. ARMORED MATERIAL SHOULD NOT BE PAINTED (NOTE: BY DIRECTION 
OP DEPT, ARMORING MATERIAL NEVER INSTALLED.) 
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C. LEAVE EXISTING DUCT 16 X 16 AS IS. DO NOT REMOVE OR TERMINATE. 

D. INSTALL YALE 197-1/4 LOCKING DEVICE. 

E. 13" DIAMETER HOLES SHALL REMAIN SEALED BUT UNEILLED. 

(NOTE: IN VIEW OE NEW LOCATION OE A/C UNIT, POST INTENDS TO 
INSTALL METAL COVER PLACE OVER THESE HOLES. 

F. DELETE THREE PLANNED FAN COIL UNITS AND TERMINATE SUPPLY 
AND RETURN LINES BELOW PRESENT FLOOR LINE AND FILL IN CURRENT 
SLAB PENETRATIONS. (NOTE: THESE FAN COIL UNITS ARE NOW 
INSTALLED, AND ONE FCU BLOCKS THE TWO 13" PENETRATIONS.) 

&. DRYWALL NEED NOT BE SPACKLED OR PAINTED. (NOTE: CONTRACTORS 
HAS COMPLETED THIS.) 

3. IT IS REQUESTED THAT THE OUTSTANDING MODIFICATIONS LISTED 
IN PARA 1 BE APPROVED AND THE FBO PROJECT SUPERVISOR BE 
NOTIFIED ASAP. 

4. POST NOW IN RECEIPT OF A/C UNIT MARKED: HOLD FOR RSO. 
FOLLOWING IS DESCRIPTION UNIT. 230V, 50/60HZ SINGLE PHASE 
HORIZONTAL COMPACT, 18,000 BTU, HERTZ MODEL MAC6H18-230-1201-01, 
NSN 4120-00-41 1-3729. BELIEVE THIS UNIT IS NOW REDUNDANT IN 

VIEW OF A/C UNIT CALLED FOR IN REP (D). PLEASE ADVISE DESIRED 
DISPOSITION OF THIS A/C UNIT. 

KILLGORE 
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